—■5 


EXISTING BUILDING GROUND BUS 


-existing federal pacific. 1600v alum. 
Paired phase pmsway to rqpjn. 


TRAWSTTWDN BOX 
(TYPICAL) 


Pi #18 


K^TS TURNING 
UP (TYPJ 


PC #19 


P£ #20 


CONfoiTS TURNING 
DOWN iXVP) - 

PE #21 



I 1 


MOTES: 

1. SEE DRAWING £-1 FOP. BUSWAY SCHEDULE & GENERAL NOTES. 

2 TRANSFORMERS & SWITCHBOARDS WILL BE UVE DURING INSTALLATION 


SUBSTATION fSWSN 


EXISTING HIGH VOLTAGE 
FEEDER— ^ 


EXrSflNG TRANSFORMER 
1500KVA, 1 J 8XV- 
480/ 277V (TYP) 


(SUBSTATION SS-75N) 


SUBSTATION 
SS-7SN 


(2) 90* OFFSETS (DOWN 
IN ELEVATION) 


I — I 


SHAFT & 
ELEC. CL 
AREAS 


t 


CABLE TAP BOX 
(TYPICAL) 


20COA. COPPER FEEDER BUSWAY. 
SEE GENERAL NOTE #6, OWG E-1 


TRADE 


TWO. WQRlP 
TRADE 


PARTIAL PLAN 75th. FLOOR NORTH 


SECURE TO 
BUILDING 
STRUCTURAL 
BEAMS. SEE 
DETAL DWG 
#E -24 & 
ARCH DWCS 


see riser drawing e-16 & 
dwg e - 12 for continuation 

up to cable support 
box on 79tk floor 


WORK AREA KEY PLAN 


TO RESPECTIVE CABLE 
TOP BOX 


2000A. COPPER FEEOER BUSWAY 
SEE GENERAL NOTE #6. DWG E-1 

TRANSITION BOX 


TIE INTO EXISTING SWTCHBOflFD 
BUS PROVIDE NEW BUS OETAIL 
AS REQUIRED 



r"i 


SEE ARCH DWG'S 
FOR ACCESS PANEL 


EXISTING 480 /277V 
SWITCMt?ePO (TYP) 


SECTION A-A 


5-f CONDUITS. 4#SOOKCM1L & 
I #4/0 CND WIRE 


CABLE SUPPORT 
BOX, NEMA TYPE 4. 
J6"XJG"X56"D WITH 
COVERS ON FRONT 
AND BACK 


5-4" CONDUfTS, 4#500KCMIL & 
1#4/0 CND WIRE 


SECTION B-B 


SEE RISER OWG C-16 & 
DWG C-T2 TW CONTINUATION 


H-278-3 


^8 0,4-1 
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EDWARDS and ZUCK, P.C. 

CONSULTING ENGINEERS 
S30 w**t 42nd SMmi, Mm Yort. Nr 10UHS 
111-734-3400 



No. Dote Revision 


Approved 



Title 

LOW VOLTAGE DISTRffiUTION 

ONE WTC 

ELECTRICAL 
75TN FLOOR 

NORTH SIDE 

BUS & RISER CABLE LAYOUT 
(SUBSTATION SS-75N) 


herein a>* 'eservoS *e Port Authority artd 


Oat* 10/4/9J SeaK «,'•* • C 

WTC-804.041 E-11 


